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check valve a stop check valve it answers at the same time as a
stop valve, which every boiler must have.

The fluctuation of pressure in the main steam pipe, caused by the
automatic cut off of engines, catfses a back-lash against the disc of
the valve, tending to drive it down to the -seat. This back-lash is
absorbed in an upward direction by piston jB which is approximately
the same diameter as the disc, hence the blow is equalized in both
directions irrespective of positions of the disc. The chamber above

FIG. 16.   BALANCED TRIP VALVE.
piston B is not a dash pot but simply a cylinder, whereby a constant
pressure is maintained above, as well as below, the seat.
Balanced Valves. The object of balancing the valve is to remove
the strain from the spindle so that its operation can be effected
quickly and with least effort.
The construction, of the Schutte valve (balanced) shown in Fig.
15 is based upon the principle of a loose fitting piston, connected
directly with the valve disc, whereby the valve is balanced.